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- WIY USa TO OUTER OKacET Of CABLE 
IMXttMt or r rROll STRtPP^ £N0 AS SHCm 
W 10 BE COVERED BY OVERSITO SHTONK. 

- APKCS TO Aa CABLE TYPES 



xm or oRCurr: 



ORCWT OES»GNATK)N 

CfSU tOENTffKATlON TA& UGMT TEXT REPRESEmS EXrSTtNG 
CAaE TAC TO REMAtN, HEAVT Jltl REPRESENTS THE TAG 
^^Y^«a fm-3(»-292 0A£.) TO BE fURNtSHEO k 


* smoBE c«cu(r. 

SPK » Of^. 

* UXy I^VtCg ORCUT 

so * SHQKC DETECTOR CffiCUT. 

m - CABI£ PMR #12 mmQ oom 

TO Tsc-i/F mooR Bao«^r 
m * CASur PA» m ftm^^ up 

1^ - oiatt'r^ fty RuriiMG'^ROM 

tiXlKV (mAN^^NOER). 


ClRCUrT NUMBER OR NAME. 

A TO G - STROBE OR SPEAKER ClRCUn' NUMBD? 

ATC - ORCUnr to AI«mSA8tE TERMINAL STRIP CABINET. 

PS - CTOJfT TO PUl STATIONS 

ElEV - CIRCUfT TO ELEVATOR LC^BT AND ELEVATOR 

MACHINE ROOM SMOKE DETECTORS 

HVAC - ORCUff TO HVAC SttOKl DETECTOR 

AREA - OROWT TO OPEN AREA SMOKE DETECTOR 

tC - INTERFACE CA8»*£T CIRCUIT 

MPJ - ttWNTENANCE PWNE JACK ClRCUfT 

SJ - STAND PIPE PHONE JACK CIRCUIT 


POLARITY 

+ - POSmVE 
- - NEGATIVE 
5 - SHIEU)/ORA!N 


(L ORAIN WRC' TO REMAtN 

* ™ ^0 K CHSCONNECtEO AND 
A^;^M^ iXtSTlNG AND REMOVAL BLOCK WtRtNG DIAGRAM. 

lllS2{!K^®^Mi>*^ TO SHAPE. uBa and 

ON OOSTIHO. RaOCATtONS m ADOmONS 

BLOCK Wlf^NG 

coNoucTwe OR mn i(m mimKAxm tag. ught text 

REPRESENTS EJOSHNG COfWCTOR TAG TO f^MAlN, HEAVY TEXT 
REPRESENTS THE m (BRADY |miL-20S-292-1 OAE.) 
TO BE FURNISHED AND ^ISTALLEO. 

27 U 5 3 

^ INOK:ArES TERli^ BLOCK NUMKR. 

- INDK^ATES Cpt»«ATK)N 'OF Ctf^CUtT CABLE. 

U " gR <mi RUN TO TSC AT FLOOR ABOVE 

0 - FOR am RUN TO TSC AT FLOOR ^LOW 

M - FOR OWE RWI TO MXLRV 

F - FOR RUH^TO DEVK;E(S) ON THE aOOR 

~ INOH^TES CABLC PAIR NUMBER. 

1'^ " filD tOOP CIRCUIT 

5-11 - m ^08E C«CUIT 

12-17 - FOR TaS»H06£ CIRCUIT 

18-26 - FOR STROBE XfecuiT 

27-42 - m SPEAKER ORCUIT 

TEfayfiNAL BiOCK NUMBERING TAG. ADOmONAL MARKINGS ARE FOR 
INFORMATKJN ONLY. 

+ (R) 5 

J I L INDICATES TERIJNAL BLOCK NUMBER 

BRADY UBEL | TB02-502-281 (OAE.) 

INSUUTION CaOR OF THE CONDUCTOR. 
(R) - RED (8) - BUCK 



FLUSH WITH 


TYPE "A 


CIRCUIT OE:S(^Tm:m£ TAG 
BRADY LA^ |mV3^ 
WITHIN FROM CABlf .IND. 


INSUUTED CONimOR (RED). 
WSUUTEO CONDUCTOR (BLACK) 

t^tH4SUUTED DRAIN WIRE. 
TERMmEO OR CONTINUED 
TO NEXT 0£VK:e. 


INSTALL CLEAR SHRINK TUBE. 


1. FOR tXCEND. ABBREVIATIONS $t GENERAL NOTES. SEE mi F- 1-2-1 

2. AU SHIELDS HUSI BE iSOlAT© FROM GROUND. APPROVED "SHRtNlT 
TUmNG SHAa BE USED ON ALL DRAIN CONDUCTORS. SE£ TYPICAL 
SHCLO/DRAIN WSUUTINC METHOD **>r ON THIS DWG. 

3. Aa WRING SHAa BE FREE OF GROUND FAULTS. OPENS, SHORTS 
k STRAY VOLTAGES, 

4. DISCONNECT AND COMPLHELY REMOVE CABLES FROM TSC CABlNa. 
Aa WORK SHALL BE DONE IN THE PRESENCE OF ,THE ENGINEER. 


EX5TING 1 lA IN *2 l/f GSC 


EXISTING 26 
(SEE NOTE 4) 
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FM. 00»«€CTIONS IN T^^ TSC OmiV SHAa BE UADE BY 

tH^ cmmcm, thc contr^or skau strip, shrink. 

AND to O^K^TED TEm<tlNAL. TERMIHATION 

miBftAS tmmx> 8y the engiicer. 
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